m)  Galvanized, rolled tin, 24 Gauge in 30 inch

rolls is to be cut into 30 inch by 30 inch sheets and treated with
vinegar to remove the oils.

n)  The tin sheets are then applied across the

bottom of the eave with a 6 inch lap on the sides and 6 inch laps
between each row. (Asphalt roofing tar is to be applied between each
sheet where they lap.) The sheets are nailed with 1 1/4 inch leadhead
roofing nails and tar applied over each exposed nailhead.

o)  Paint roof brown when tar sets up.

3)   Walls  (Main Cabin):

a)   Remove and replace all logs on the west wall

one at a time.  (Existing logs have notches from the addi tion walls.)
Leave an opening for the window which was removed from the west wall of
the addition." Logs on both sides of the windows should be drilled and
pinned  together  with  #4  rebar.   Pinning  should  occur  4  inch  and
8 inch (staggered from one log to the next) from the window opening.

b)   Loose chinking should be removed.

c)   New moss chinking should be jammed into all
cracks and holes between logs.

4)   Walls  (Porch):

a)  Remove board chinking  from both sides of

south wall.

b)  Remove top log of east and west walls (below
the plate logs).

c)  Remove  top log of south wall  (2 pieces -
below the eave log).

d)   Remove nails that attach slotted horizontal
logs to splines.

e)   Renail splines to all posts and ends of main

cabin logs.   (Lift individual logs and place 20d nail between every
other log.)

f)   Replace top logs under eave log and plate
logs and renail ends of slotted logs to splines.

g)  Remove loose chinking from all logs.

h)  New moss chinking should be jammed into all
cracks and holes between logs.
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